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EXISTING 
CONDUIT 


FOR 4: 
* IflO GND 


3/4" NIPPLE 
WITH DOUBLE 
LOCKNUTS <5c 
BUSHINGS 


IN 

TO UPS IN FIRE COMMAND 
CENTER CONSOLE 


DOUBLE LOCKNUTS St 
BUSHINGS (TYPICAL) 


GRN WITH 
YELLOW STRIPPING 


30A FUSE 


SOLID COPPER 
NEUTRAL PLUG 


1 v ■ ■ 



RECEPTACLE 
MOUNTING STRAP 


F.C.O. 

SUPPORTED 
BY CHANNEL 


EXISTING 
EMER. PHASE 
CONDUCTOR 

TO EX. GRD LUG 

ILSCO #IPC-4/0-6 
CONNECTOR (OAE.) 


EXISTING 
EMERGENCY 
POWER 
PANEL 


GREEN HEX HEAD 
GROUNDING SCREW 
AND CIRCUIT 


4#f0 *~ NEUTRAL 

BLOCK 


FINISHED FLOOR 


DETAIL f A 


TYPICAL FC O CONNECTIONS 

N.T.S. 


8"x8 H x4 w (TYP. FOR 2) 

TEMPORARY WORK DESK 
FOR FIRE COMMAND 
OFFICER (DESK NIC) 



CCTV SECTION 
OF FCC CONSOLE 


NOTES: 

1 - - ro 

2 " ROUTC S^ C r r V nSr v^ C ^^2In E /% D C ? W CABLES FOR 24 CAMERAS AND 

^mo^ ^^SS^? GRADE 81 EXTEND C0NDU,T AND PR ™ 0E 

3. DISCONNECT ALL POWER WIRING TO EX. CONSOLE AND CAP CONDUITS FLUSH WITH FLOOR. 


D 4 


REMOVALS AND RELOCATIONS ■ TOWER O WE AND TWO 

(TOWER TWO SIMILAR, OPPOSITE HAND) 

0 3.6 


INSULATING 
BARRIER 




OUTLET 


1O"X1.0"X6 
8"X8 tt X4" * 


TO NCC UPS 
UNITS 


FCO FEEDS TO FCC 
CONSOLE UPS UNITS 
2-1/C #10. 1-1/C #10G, 
1-1 /C #10 IG IN 3/4*C 

EMERGENCY POWER 
PANELBOARD #2 


GROUNDED METALLIC 
CONDUIT 


mi- 



GREEN INSULATED 
, , BUILDING GROUND 

PHASE CONDUCTOR ^ / \ T CONDUCTOR 

^- GREEN WITH YELLOW STRIPING 
INSULATED ISOLATED GROUND 
CONDUCTOR 


5-1/C#8,1-1/C#8G, 
IN 1 1/4 H C 


'Bf SUBGRAO E LEVEL 
ELEV. 294' " 



FIRE COMMAND 
CENTER CONSOLE 

8H/C#10. 

1-1/C#10G, 4-1/C#l'0.IG. IN 1 1/4"C. 

15-1/C #10, 1-1/C #100, 
8-1/C #10 I.G. IN 1 1/2"C 
(CKTS 1,2,3,4,5,6,7,9,11) 


6 H x6*x36 B TROUGH 


CONCOURSE LEVEL 
ELEV. 31 O r 

^SEE^DETAIL^FOrVcO ^ NOTE: 

CONNECTIONS I MOUNT ALL EQUIPMENT 

ON GALVANIZED STEEL 
SUBPANELBOARD 'A': 100A UNISTRUT CHANNEL 
(W/50A MN CB)12»20A/1P . 1 1/2'xl 1/2"x 12 GAUGE 
CB, 120/208V, 30, 4W I SECURED TO WALL 
SEE PANEL SCHEDULE. | 
DWG. NO. E J 5 1 
J* SUBSTATION 

f^T^if]^^^^ V4 "°- R0UTED T0 C0LUMN "03 
(SEE PLAN P4, DWG. E-2) BOND TO BUILDING STEEL AT COLUMN 


NEUTRAL CONDUCTOR 


TYPICAL ISOLATED GROUND REC EPTACLE DETAIL 

N.T.S. 


R 13 \ POWER RISER DI AGRAM TOWER ONE 

N.T.S. 


tHSREBY CERTIFY THAT THIS IS A TRUE AND CORRECT 
COPY OF ONE OF THE C^NTRACT^^NGaCOTf 
STITUTING A PART OF CONTRACT NO%VfC * 0*7 
IN THE FOR$ IN WHICH SAID DRAWINGS EXlf ~ ~ 
THE TIME THE SAID CONTRACT WAS EXECUTED Bf 



FIRE COMMAND CENTER EQUIPMENT LFftFMn - muieo /^m- , ^ 
- cn CWirwcwi icqfcNP - TOWER ONE (for console plan see dwg. no. e-2) 


SPECIFICATION 


CCTV RACK (IN CABINET. BELOW) 


K EYBOARD (ON SLIDE BELOW) 
PENCIL DRAWER 


BATTERY CHARGER (IN CA8.NET 8EL0W) 
B i^J ^ PlQ w / MICROPHONE (PENCIL PRAWER-BELOW) 

CONSOLE) _ 

jjjggllgg^l ^^T (MHS0LE)/CLP.u7iuP.& (IN CAB bIlQW) 

ELEC QUAD, (2) PHONE JACKS ~ 


J NPUT I DUACCI 

(VOLTAGEi PHASEf 


Hz, 


UNIT 
LOAD 
(VA) 


TOTAL 
LOAD 
(VA) 




P; m 


0 


* mfiL ** t4 ^ m SEOUDinAL SUM* BURLf UOOCl TC8I248 <K APPROVE) CQU* 

I'M— — T1 — Hi mi mi mi, IMIii 


I 


60 


NCC-SUB-G (IN VERT C0NSO£)/C.P.U. k U.P.S. (IN CAB BELOW) 
NCC-CONC (IN _V ERT CONSOLE)/C.P.U. ft U.P.S. (IN CAS BELOW) 
STATIONARY INTERCOM (IN VERT CONSOLE) ~ 


120 


600 


P 
P 


<- • ^^^^^m^^^,,^ m/i _ n :.™.. A ^-.. 


■ "' ' ■ i 


120 


^■^VH.ijk-a-'i 


60 550 550 


* i!* J«A^^ POWERED FROM UPS; SEE?22 

720 I 2160 I P(ELECT. QUAD-G.P.);T — — 


120 


120 


1 


I'VV^VAlE^tUHBIfirMM 


550 550 SEE ITEM 7. 


120 


60 550 550 SEE ITEM 7. 


1 


■■ »™«tami t .^i.v«i»iwi_ lawwwl , /: 


C0NS0LE)/C. 


^!2LLy?W VENTILATION 


CONSOLE) 


1 


60 


550 SEE ITEM 7. 


120 


1 


100 


120 


1 


P;D; PROVIDE k INSTALL MONITOR; »j£X MOOEL TC III^OrIpPRoWeOML 


PORTABLE PHONES 


TOTAL CONNECTED LOAD 


DOT MATRIX PRIN TER 
ASER PRINTER 


120 


1 


1 


P:*P0WER CONNECTION 


D*DATA/ COMMUNICATION CONNECTION 


TOM CONNECTED LOAD 


rn -fr-.. J f - 

T*TELEPHONE CONNECTION 


7,820 


12V CKT VIA CONSOLE BALLAST BOX; .MA/Fur^m 


«l»H™^=*: J», ;|,| , .j„. .,..,. 


60 


P;D; POWERED FROM NCC UPS UNIT; ONE PER NCC 
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